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ACTION SY-07 

INEO OCT-OI NEA-09 ISO-00 /017 W 

038154 

PR301301ZJUL74 
PM AMEMBASSY BEIRUT 
TO SECSTATE WASHDC PRIORITY 9338 
INEO USINT ALGIERS 
AMEMBASSY RABAT 

CONPIDENTIAL BEIRUT 8898 

PROM OIC RTC GILLIAM 

EO 11652: GDS 
TAGS: ASEC 

SUBJ: ALGIERS ACR AIR CONDITIONER 

1. AIR DUCTING INSTALLATION INCLUDES SHEET METAL TRANSITIONS 
PROM APPROX 16 IN SQ AIR CONDITIONER 

OPENINGS TO STANDARD 12 IN DIAMETER ROUND PLEXIBLE 
DUCTING. THIS DIPPERS FROM OTHER INSTALLATIONS ONLY IN 
SIZE AND SHAPE OP TRANSITIONS. INSTALLATION HAS NO OBSTRUCTIONS 
AND FOLLOWED GOOD COMMERCIAL PRACTICE. IT SHOULD NOT BE 
REFERRED TO AS JERRY-RIGGED. UNITS UTILIZING EXPOSED FLEX 
DUCTING ARE NOT INTENDED TO BE INSTALLED IN PLAIN VIEW AND POST 
SHOULD FOLLOW RTC RECOMMENDATION OF CURTAIN AS DETAILED IN 
GILLIAM MEMO OP 21 MAR 74. 

2. CONDITIONER WORKED TWO PULL DAYS PRIOR TO DEPARTURE OP 
INSTALLATION TEAM. IP DEPT DETERMINES KECO 

UNIT WILL NOT OPERATE WITH 12 IN DUCTING, PHYSICAL 
LAYOUT IS SUCH THAT INTAKE AND EXHAUST FROM OUTSIDE 
CAN BE MODIFIED TO UTILIZE 15 IN SQ SHORT SHEET 
METAL TRANSITIONS TO WALL OPENING MADE POR THAT PURPOSE. 

AS POR INTAKE AND EXHAUST OP ACR ITSELP, INSTALLATION 
OP ROTRON IN-DUCT FANS MIGHT HELP. 

3. CEI SMITH WILL COMPLETE WORK IN MOROCCO 0/A 

14 AUG AND CAN BE DETOURED TO ALGIERS IP VISIT DESIRABLE. 
CONPIDENTIAL 
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